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EXISTING FLUORESCENT LIGHTING FIXTURE <20"s 100") TO BE RELOCATED 
ASTERISK DEMOTES FIXTURE TO BE REMOVED AND STORED 

RELOCATED FLUORESCENT LIGHTING FIXTURE (2Q"x 100"). 
RELOCATED FLUORESCENT LIGHTING FIXTURE (20"x 50"). 

FLUORESCENT LIGHTING FIXTURE (20"x 50") . SUB-LETTER DENOTES SWITCH 
CONTROL. - SEE NOTE #1. 

INCANDESCENT SUMACS MOUMTiO -AKTDRE - 20 VDU.T - ?S" WATT 

U4C*.MOcSC£MT SfcCE&SiO FlKTU«.fe - ^OVOOT - IS WATT 

UNBERCELL MOUNTED BOX ASSEMBLY - SEE NOTE #1. 

EXISTING UNDERCELL MOUNTED BOX ASSEMBLY TO REMAIN. 

REMOVE EXISTING UNDERCELL MOUNTED BOX ASSEMBLY , INSTALL SUITABLE 
FITTING TO CAP OPENING IN EXISTING CEILING W1REWAY. 

JUK»CT\0*A 

SINGLE POLE WALL SWITCH, MOUNTED 50" A.F.F. UNLESS OTHERWISE NOTED. 
SUB-LETTER INDICATED FIXTURE (S) CONTROLLED - 20 A. , 277V., CAT. #li21-GRAY, 
BY HUBBELL (#1101 -GRAY; ISA, 120V.). 

THFEE-WAY WALL SWITCH, MOUNTED 50" A.F.F.F. UNLESS OTHERWISE. NOTED. 
SUB-LETTER INDICATES FIXTURE (S) CONTROLLED. - 20A., 277V. » CAT. #1123-GRAY; 
BY HUBBELL (#1 103-GRAY ; 15A. , 12 V.). 

ROTARY OHO** S >HGU PQUE fcOO * - rt© VOLT 0«KHU« * Tlr^t^ " 
&ftU4H£.0 AluMiHi'N\ \~t\CE PLATS - SOSlXTt&S t)£NOT£ c P**Vi N« j 
COM T ^OLtcD CAT Ct D'WOP 

SMALL Mk» ^TAuTP-U. SWlfCH UJITH CVH.UAD 6 C . CAT * CK.-lO»-*T 

EXISTING AFTEHSET FITTING, COMBIMTION TELEPHONE/DUPLEX RECEPTACLE 
TO REMAIN. 

REMOVE EXISTING COMBINATION TELEPHONE/ DUPLEX RECEPTACLE - 5E&- 

KOTt «• H . ASTERISK DENOTES FLOOR OUTLET UNIT TO RE RELOCATED. 

RELOCATED COMBINATION TELEPHONE/DUPLEX RECEPTACLE . CORE DRILL FLOOR. 
INSTALL AFTERSET FITTING, SEE NOTE #1. 

AFTERSET FITTING AND ADAPTOR ASSEMBLY - SEE NOTE «fl. WALL MOUNTED 
DUPLEX RECEPTACLE , ISA., 125V.; ARROW-HART #6352, FURNISHED AND 
INSTALLED BY CONTRACTOR. wt^ r 

AFTERSET FITTING , AND ADAPTOR ASSEMBLY FOR VC c . - SEE NOTE #1 , WALL MOUNTED 
TELEPHONE OUTLET, FURNISHED AND INSTALLED BY CONTRACTOR. MO'.'.; \Z >^ - 

smCVE l?EC6PmCLt-WftLU ^OUMTt-O • ll$V. - ARCO*0-HA«.T cat e Siu>\ 

EXISTING FLEXIBLE CONDUIT AND CABL,. CONNECTION TO REMAIN , RECONNECT 
AS REQUIRED. 

EXISTING FLEXIBLE CONDUIT AND CABLE CONNECTION TO RE REMOVED. 

RIGID STEEL CONDUIT, HOT DIPPED GALVANIZED (UL STANDARD #6), 
RUN CONCEALED IN CEILING AND /OR WALL. 

FLEXIBLE CONDUIT AND CABLE CONNECTION (UL STANDARD #514). 
CENTERLINE OF EXISTING FLOOR CELL. 

EXISTING POWER AND TELEPHONE FLOOR CELL. 

„» rt «n iwec DAHBt c np 171 nnn tft I S AND HEADER DUCT. 
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QHLBSS SPECIFICALLY HOTED OTHERWISE, ELECTRICAL OUTLETS ARE CO! 
'« "MICH ARE DESIGNATED AT THE END OF EACH CELL. 




\MEtl INSTALLING AND /OS REMOVING LIGHTING AND/OR RECEPTACLE OIT 
AND/OP RECOKNECT IONS IK TEE UHBERFL0QR SYSTEM SB4LL BB ' 
DUCT ONLY. CONTRACTOR SHALL INSTALL TWO WIRES FROM 
LIGHTING FIXTURE BOX ASSEMBLY TO THE HEADER DUCT. ALL USUSED WIRIHG 
BETWEEN THE REMOVED OUTLETS AND READER DUCT IS TO BE REMOVED BY THE COSTMCTOS. 

CIRCUITS THAT ARE DESIGNATED WITH NUMBERS OF I THRU 6 INCLUSIVE & 31 jAND 
ARE SOT EXISTING IN THE HEADER DUCT. CONTRACTOR IS TO INSTALL 
THE APPROPRIATE QUANTITY OF WIRES, FROM ITEM TO BE SERVICED, BACK TO 
DESIGNATED PANEL VIA THE FLOOR CELL AND HEADER DUCT. 

OTSN REMOVING ANY SPECIAL PURPOSE OUTLETS, THAT ARE SHOWN CONNECTED TO CXBCDXTS 
^m^.,** i mirai -ja tuci ileitis? the- c/T^TTMn UtHEK SHALL 2E REMOVED 

BY THE CONTRACTOR BETWEEN THE REMOVED OUTLET MD THE INDICATED PANEL. THE 
CONTRACTOR SHALL MODIFY THE PANEL DIRECTORY TO REFLECT THE CIRCUIT AVAILABILITY. 

ALL CONDUITS TO HAVE t MINIMUM OF 2 #12 WIRES (UL STANDARD #83), AND SHALL 
BE A MINIMUM OF 3/V UNLESS OTHERWISE NOTED. 

MINIMUM DISTANCE FOR ALL COMBINATION TELEPHONE/DUPLEX RECEPTACLES AND/OR 
RECEPTACLES SHALL BE 6" FROM WALLS OR CONVECTORS , UNLESS OTHERWISE INDICATED 
ON DRAWING. 

ALL DEVICE PLATES FOR WALL OUTLETS SHALL BE BRUSH SATIN FINISH, ANODIZED 
ALUMINUM. DEVICE PLATES FOR TELEPHONE OUTLETS SHALL CONTAIN A BUSHED HOLE. 

ALL OUTLETS AND CEILING BOX ASSEMBLIES THAT ARE BFING REMOVED AND HOT 
■USED ARE TO BE RETURNED TO THE ENGINEER. 


FOR ELECTRICAL SPECIFICATIONS SEE DRAWING F-l . 

ALU FLOOR C>>TlCT: To &E- REMOveO OR A&AMPOKieO 5**U. *fcV£ Atv. WIRE S 

i METAu SLUG. SMfti-u IHSTAULtC TO CAP TKg 9/X CELU ftMO 

-utZlt'^lum^^^ ^K£MT KD JI)mT€.0 TO ^AM , 

ALL ELECTRICAL FLOOR OUTLET UNITS (HOUSING) SHALL BE SET FLUSH ON THE CONCRETE 
OR VINYL FLOOR. 

THE CONTRACTOR SHALL INSTALL IK ALL AFTERSET FITTINGS, TWO <2> "PALUSOL" 
PACKETS (FIRESTOP); ONE ON EACH SIDE OF AFTERSET BAFFLE. PACKETS SHALL BE 
FURNISHED BY THE AUTHORITY AND INSTALLED BY THE CONTRACTOR. 
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ELECTRICAL 

LEGEND, NOTES, LIGHTING 
POWER, AND TELEPHONE PLAN. 




